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BILL NO. S-94-08- Í 5 


E C j 
SPECIAL ORDINANCE NO. S- 5 AF Y 


AN ORDINANCE approving the awarding 
of I.T.B. %6067 by the City of Fort 
Wayne, Indiana, by and through its 
Department of Purchasing and B € B 
AIR, INC. for the Fort Wayne Fire 
Department. 


NOW, THEREFORE, BE IT ORDAINED BY THE COMMON COUNCIL 


OF THE CITY OF FORT WAYNE, INDIANA; 


SECTION 1. That І.Т.В. 46067 between the City of 
Fort Wayne, by and through its Department of Purchasing 
and B & B AIR, INC. for the City of Fort Wayne Fire 
Department, respectfully for: 
the purchase and installation of a 
Diesel Fume Abatement System at ten 
(10) Fire Stations and Fire Shop; 
involving a total cost of One Hundred Sixty-Nine Thousand 
Three Hundred Eighty and no/100 Dollars ($169,380.00), all 
as more particularly set forth in said I.T.B. #6067, which 
is on file in the Office of the Department of Purchasing, 
and is by reference incorporated herein, made a part 
hereof, and is hereby in all things ratified, confirmed 
and approved. 
SECTION 2. That this Ordinance shall be in full 
force and effect from and after its passage and any and 


all necessary approval by the Mayor. 


Council A 


APPROVED AS TO FORM 
AND LEGALITY 


O A 


J. Timot cCaulay, y Attorney 











- 
mw 


Read the first time in full and on motion by ж 
secondeé Y, and duly adopted, read the second time by 


title and referred to the Committee on (and the 
City Plan Commission for recommendation) and Public H aring to be heja after 
due legal notice, at the Common unc? an Room 128, C сапу 


Building, Fort Wayne, Indiana, о ж ‚ the c 


CRA Ие "E Namur T m 7 QUIS Parc s 
DATED: | ЕСІ 3-64 IBA 


SANDRA E. KENNEDY, CITY CLER 


, 





Read the third time in full and on motion by M Te 


seconded Бу ——— === , and duly adopted, placed on its CN 
PASSED bose by the following vote: 
AYES NAYS ABSTAINED ABSENT 


TOTAL VOTES 


BRADBURY "b 
EDMONDS | Pa 


GiaQUINTA E 2. 

HENRY | ne p 

LONG ad 

LUNSEY 2 С 

RAVINE | m 

SCHMIDT | я | 

TALARICO Рай E . 
DATED: СЕ АЙ | 24 2. fa oe 

SANDRA E, KENNEDY, CITY CLER 

Passed and adopted by Еле Common Council of the City of Fort Wayne, 


Indiana, as (ANNEXATIONJ—— — — —— APPROPRIATION) — (GENERAL) 


(SPECIAL) (ZONING)- ORDINANCE RESOLUTION Á 
on the á IA day of есег er) „йө A 


АТТЕ5Т: (SEAL) 


o Оа 


SANDRA E. KENNEDY, CITY CLERY 





Það by me to the Mayor of the City of Fort Wayne, Indiana, oh 
he du ZA day of , 195 
at the hour of Ж 2 е o'clock 









SANDRA E. KENNEDY, CITY CLERK” 
Approved and signed by me this NA day of Мм ? 

19 Qy , at the hour of Lido о'с1оск | қ Mg BS 

қ 


= 
PAUL HELMKE, MAYOR 


REF NO: 6067 


DEPT.: FIRE DEPARTMENT 


DATE: 08/10/94 


ITEM/SERV.: PURCHASE & INSTALLATION OF DIESEL FUME ABATEMENT SYSTEM 


PURCHASING INFORMATION 

ADVERTISED BID: Yes 
DATES ADVERTISED: 08/16/93 & 08/23/93 
DATE OPENED: 09/02/93 
SINGLE SOURCE: No 

NO OF VENDORS NOTIFIED: 9 

NO. OF VENDORS RECEIVING BID: 5 

NO. OF VENDORS RETURNING BID: 2 

NO. OF VENDORS DISQUALIFIED: 0 

NO. OF VENDORS NOT RESPONDING: 7] 

DATE SENT TO DEPT. FOR КЕСОММ.: 09/07/93 
DATE RECOMM. REC'D IN PURCH.: 08/04/94 
DATE INFOR SENT TO LAW DEPT.: 08/10/94 
INTRODUCTION DATE:: 08/23/94 
DISCUSSION: 09/06/94 


PASSAGE DATE: 09/13/94 


ІТВ 6067 


PURCHASE % INSTALLATION OF 


DIESEL FUME ABATEMENT SYSTEM 


OPENED: 9/2/93 
DESCRIPTION 


COMPLETE PACKAGE 


STATION 1 
STATION 2 
STATION 5 
STATION 6 
STATION 7 
STATION 9 
STATION 10 
STATION 11 
STATION 12 
STATION 14 
FIRE SHOP 


QTY 


—h 


— A LÀ l3 LÀ l3 l3 là là l3 2м 


NATL INSTALLERS 


$182,067.00 


$ 49,000.00 
$ 17,500.00 


` $ 15,300.00 


$ 14,900.00 
$ 11,900.00 


$ 17,000.00 : 


$ 8,200.00 
$ 11,600.00 
$ 11,900.00 
$ 9,800.00 
$ 17,400.00 


B & B AIR 
$169,380.00 


$ 42,117.00 
$ 17,937.00 
$ 11,819.00 
$ 12,001.00 
$ 11,639.00 
$ 18,121.00 
$ 6,810.00 
$ 11,410.00 
$ 11,932.00 
$ 12,421.00 
$ 17,136.00 


BACHARACH Sentinel 44T Seríal No. YD0550 
Versíon ТІ 
Last Calíbration: 10/19/94 
User: 


TWA EXPOSURE - STARTING 11:09 10/24/94 
TOXIC SENSOR 1 ( CO): 22 PPM ELAPSED TIME 07:05 


MAXIMUM STEL EXPOSURE - STARTING 11:09 10/24/94 
TOXIC SENSOR 1 ( CO): 157 PPM AT 11:45 


PEAK READINGS - STARTING 11:09 10/24/94 


READING TIME 

MAXIMUM OXYGEN 21.5 € 17:38 

MINIMUM OXYGEN 16.8 % 11:45 

COMBUSTIBLES 0 % LEL 11:09 

SENSOR 172500) 627 РРМ 11:45 

SENSOR PEK ) O PPM 17:26 
Exhaust Area 


Station 1 


BACHARACH Sentinel 44 Serial Мо. XG0657 
Version 4 
Last Calibration: 10/19/94 
User: 


TWA EXPOSURE - STARTING 11:12 10/24/94 
TOXIC SENSOR 1 ( CO): 11 PPM ELAPSED TIME 07:05 


MAXIMUM STEL EXPOSURE - STARTING 11:12 10/24/94 
TOXIC SENSOR 1 ( CO): 90 PPM AT 17:45 


PEAK READINGS - STARTING 11:12 10/24/94 


READING TIME 

MAXIMUM OXYGEN 21.4 % 14:17 
MINIMUM OXYGEN 20.8 % 11:45 
COMBUSTIBLES O% LEL 11:12 
SENSOR 1 ( CO) 175 PPM 11:45 
SENSOR 221 ) 42 РРМ 17:45 


Dress Out Area 
Station 1 


BACHARACH Sentinel 44Т Serial No. YG0503 
Version T2 


Last Calibration: 10/19/94 
User: 


TWA EXPOSURE - STARTING 11:18 10/24/94 
TOXIC SENSOR 1 ( Со): 16 PPM ELAPSED TIME 71:40 


MAXIMUM STEL EXPOSURE - STARTING 11:18 10/24/94 


TOXIC SENSOR 1 ( CO): 0 PPM АТ 17:40 
РЕАК READINGS - STARTING 11:19 10/24/94 
READING TIME 
MAXIMUM OXYGEN 21.7 X 14:27 
MINIMUM OXYGEN 20.8 % 10:38 
COMBUSTIBLES 0.0 % CH4 11:19 
SENSOR 1 ( CO) 259 PPM 11:41 
SENSOR 2 ( ) O PPM 17:40 
Bay Area 
Station 1 


No Histogram 


BACHARACH Sentínel 44T Seríal No. YDO582 
Versíon T1 
Last Calibration: 09/06/94 
User: 


TWA EXPOSURE - STARTING 11:28 10/24/94 
TOXIC SENSOR 1 ( CO): 7 PPM ELAPSED TIME 07:10 


MAXIMUM STEL EXPOSURE - STARTING 11:28 10/24/94 
TOXIC SENSOR 1 ( CO): 21 PPM AT 17:55 


PEAK READINGS - STARTING 11:29 10/24/94 


READING TIME 

MAXIMUM OXYGEN 21.6 % 14:12 

MINIMUM OXYGEN 20.9 % 11:29 

COMBUSTIBLES 0 Ф ТЕШ 11:29 

SENSOR 1 ( СО) 33 PPM 17:55 

SENSOR Denil ) O PPM 18:33 
Watch Room 


Station 1 


BACHARACH Sentínel 44T Seríal No. YDO582 
Version T1 
Last Calibration: 09/06/94 
User: 


TWA EXPOSURE - STARTING 09:23 10/21/94 
TOXIC SENSOR 1 ( CO): 3 PPM ELAPSED TIME 08:11 


MAXIMUM STEL EXPOSURE - STARTING 09:23 10/21/94 
TOXIC SENSOR 1 ( CO): 10 PPM AT 13:16 


PEAK READINGS - STARTING 09:23 10/21/94 


READING TIME 

MAXIMUM OXYGEN 21.6 % 16:40 
MINIMUM OXYGEN 19.5 % 1512 
COMBUSTIBLES 7% LEL 09:23 
SENSOR 1 ( CO) 175 PPM 09:48 
SENSOR 2 ( ) O PPM 15:12 


At Pump 2 Exhaust 


OSHA ‘TWA = 35ppm 


OSHA STEL = 200ppm 
TWA is measured over 
8 hours 


STEL is measured over 
15 minutes 


BACHARACH Sentínel 44T Serial No. YG0503 
Versíon T2 
Last Calibration: 10/19/94 
User: 


TWA EXPOSURE - STARTING 09:23 10/21/94 


TOXIC SENSOR 1 ( CO)! 1 PPM ELAPSED TIME 07:59 
MAXIMUM STEL EXPOSURE - STARTING 09:23 10/21/94 
TOXIC SENSOR 1 ( CO)! 6 PPM AT 13:13 
РЕАК READINGS - STARTING 09:23 10/21/94 
READING TIME 
MAXIMUM OXYGEN 21.4 % 14:54 
MINIMUM OXYGEN 20.7 % 09:29 
COMBUSTIBLES 7 % LEL 09:24 
SENSOR 1 € СО) B PPM 13:13 
SENSOR 2 ( ) 0 PPM 17:21 


At Pump 2 Dress Out Area 


BACHARACH Sentinel 44T Serial No. Үр0550 
Version T1 
Last Calibration: 10/19/94 
User: 


TWA EXPOSURE - STARTING 09:17 10/21/94 
TOXIC SENSOR 1 ( CO): З PPM ELAPSED TIME 08:11 


MAXIMUM STEL EXPOSURE - STARTING 09:17 10/21/94 
TOXIC SENSOR 1 ( CO): 8 PPM АТ 13:17 


PEAK READINGS - STARTING 09:17 10/21/94 


READING TIME 

MAXIMUM OXYGEN 21.5% 13:17 
MINIMUM OXYGEN 20.7 % 09:20 
COMBUSTIBLES 7 % LEL 09:19 
SENSOR 1 ( СО) 11 PPM 13:17 
SENSOR 2% ) 0 PPM 16:18 


Bay Area Behind Pump 2 
and next to Ladder 2 


4 


BACHARACH Sentínel 44 Seríal No. XG0657 
Version 4 
Last Calibration: 10/19/94 
User: 


TWA EXPOSURE - STARTING 09:27 10/21/94 
TOXIC SENSOR 1 ( CO): O PPM ELAPSED TIME 07:46 


MAXIMUM STEL EXPOSURE - STARTING 09:27 10/21/94 
TOXIC SENSOR 1 ( CO): 9 PPM AT 09:28 


PEAK READINGS - STARTING 09:27 10/21/94 
READING TIME 


MAXIMUM OXYGEN 21.4 % 13:45 
MINIMUM OXYGEN 20.8 % 09:31 
COMBUSTIBLES 0 $ LEL 09:29 
SENSOR 1 ( СО) 36 PPM 09:27 
SENSOR 2 ) 32 PPM 15:46 


Living Area 


CO (ppm) 02 
Before During After Before Düring After 
Station 1 2 459 24 200% DA 20,6% 
Station. 2 ї 950 20 VOL оа EA 
Station 7 2 303 22 20895 ТӘЙ 20x 595 
Stations 0 0 0 0.0% 0.0% 0.0% 
Station 9 3 439 21 ОО O ШО 


CO level was significant in kitchen, bedroom and apparatus room 
several minutes after equipment turned off. 


e 


Hydrogen Sulfide levels averaged 12 - 17 ppm for each station 
tested. 


> 
T 






BEFORE ENTRY - TEST FOR 
[OXYGEN- COMBUSTIBLE GAS-TOXIC GAS 














OXYGEN COMBUSTIBLE - METHANE -[CH a] 
SPECIFIC GRAYITY 
54 (13017) 
25% | 
VOLUME % BY YCLUME 
7 20,9% NORMAL AIR SUPPLY deccm NT NE) 
19. " QSHA.- SCOTT ALERT-ALARM SETTING" 
I7.5945- FLANE OUT- ATMOSPHERE CAN BE zu 
WORKED IN - NO ILL EFFECTS FOR 
SEVERAL HOURS | une. озне; ~ 
13% -+'w00ZY" TO UNCONSIOUS ve СА В 
3 
ds 13% WORK DIFFICULT - INCREASED BREATHING 2 
Р (LIPS TURN BLUE) 


10% 1- DYING 





— BELOW — & %+ UNCONSCIOUSNESS - DEATH IF ADEQUATE 


4 ” ” 
OXYGEN SUPPLY IS NOT QUICXLY RESTORED eos 3 ps 
П о/ 





0% гок. (19000 PER.) 





HYDROGEN HYDROGEN SULFIDE {HS} sciri GRAVITY TOXIC - CARBON MONOXIDE 
42.000 ÞEM ZLE! L18 (553?) 129,000 PPM, [2% LEL. 
1F1 RAV 
A a ia ae 
1000 РРЫ — DEATH IN MINUTES á 





DEATH IN MINUTES 
500 PPM. SCOP PA 4 
P HEADACHE AMD DISCOM FORT 
130 ERM FROM |50 PPM TO TO PPM A i IKN TWO OR THREE HOURS 
; SLIGHT SYMPTOMS AFTER POOP Pid 
: 100 rt -- 
NOW) "ALARM 
LE uc PRE, Eo: SCOTT ALERT 
33 PM TWA (PROPOSED) -TLV. 
lo ep OFFICIAL TLY FOR 8HOURS EXPOSURE FOR 8 HOURS EXPOSURE 
ALARM SETTING FOR SCOTT ALERT S PE 
О PPN —— 


HARRY J. KWIEK 
TECHNICAL SALES REPRESENTATIVE 
"INSTRUMENTS 4 CONTROL SYSTEMS 





SCATTOLPATION è AFIGGIE INTFENATIONAL Couey FS = 


The City of Fort Wayne 


Paul Helmke, Mayor 





City of Fort Wayne 
Council Members 
City Council Chambers an 


Dear Council Member; 

Before you is an ordinance requesting approval for the purchase and installation of 
a Diesel Fume Abatement System for the Fort Wayne Fire Department. This system will be 
used for the removal of diesel fumes. The bid was awarded to B & B Air in Indianapolis, 


Indiana. They were the lowest and most responsive of two bidders. 
This purchase was previously approved for the 1994 Safety Bond. 


Sincerely, B, 
2 ( Á 2 ВР. 
har YO bes сыро Peg 


Sharon Parks 
Administrative Assistant 


BICENTENNIAL 


FORT WAYNE, 
W 
One Main Street Fort Wayne, Indiana 46802-1804 4 


An Equal Opportunity Empl = 
n Equal Opportunity Employer © EEE) ss 


DIGEST SHEET 


TITLE OF ORDINANCE: Special 

DEPARTMENT REQUESTING ORDINANCE: Purchasing 

SYSNOPSIS OF ORDINANCE: An ordinance approving the award of ITB 6067 for the Purchase 
and Installation of Diesel Fume Abatement System at (10) Fire Stations and Fire Shop per 
specifications. The cost reflects the most responsive bidder and should be awarded to B & B Air in 
the amount of $169,380.00. This will be assigned a price agreement upon Councilmanic Approval. 
IF NOT LOWEST, WHO WAS AND WHY WERE THEY NOT AWARDED: 

EFFECT OF PASSAGE: Will meet OSHA requirements 

IF REPLACEMENT, WHAT NECESSITATES: 


EFFECT OF NON-PASSAGE: Diesel Fumes have proven to be a Cancer causing agent and 
produces large amounts of soot. If not approved could face OSHA violations. 


PRIOR APPROVAL REQUESTED: No DATE: 
ACCOUNT INFORMATION: Fire Department 
PRICE AGREEMENT: Yes PURCHASE ORDER: 


MONIES INVOLVED: B & B AirInc $169,380.00 


BILL NO. 5-94-08-06 





КЕРОКТ ОҒ ТНЕ СОММІТТЕЕ ОМ Á 
. FINANCE 
CLETUS R. EDMONDS - DONALD J. SCHMIDT - CO-CHAIR 
ARCHIE 1. LUNSEY 
DAVID С. LONG 








WE, YOUR COMMITTEE ON FINANCE TO WHQM WAS 


REFERRED AN (ORDINANCE) ( REGOCEXIXIXEON ) approving the awarding 
of I.T.B. #6067 by the City of Fort Wayne, Indiana, by and through its 


Department of Purchasing and B & B AIR, INC.for the Fort Wayne Fire 
Department 


























HAVE HAD SAID (ORDINANCE) (RESODUYDON) | UNDER CONSIDERATION 
AND BEG LEAVE TO REPORT BACK TO THE COMMON COUNCIL THAT SAID 
(ORDINANCE) ( 










DO PASS . DO NOT PASS ABSTAIN NO REC? 







/ — - 2 
е ы. S 22. 
Mh Lit Lin Si 


= 


DATED: 2/- Vie #4 


Sandra E. Kennedy 
City Clerk 


